Two temporary splices were found in the trailing
cable supplying power to the cutting machine
being operated in the 001-0 section.

Section 104(d)(l) Order No. 906338, November 19, 1981, cites a
violation of 30 CFR 77.506, and the condition or practice cited is as
follows;

Two 25 amp fuses protecting the breaker box located
' in the lamp house and supplying power to the heater
and the stationary grinding machine were bridged
out with wire. Also, the four fuse holders for the
2 heaters contained welding rods instead of fuses.

Section 104(d)(2) Order No. 906339, November 19, 1981, cites a
violation of mandatory safety standard 30 CFR 77.700, and the condition
or practice cited is as follows:

The stationary grinding machine located in front
of the lamp house was not frame grounded.
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Section 104(d)(2) Order No. 907002, February 12, 1982, cites a
violation of mandatory safety standard 30 CFR 77.1605(b), and the condition
or practice cited is as follows:

The foot brake on the Michigan endloader would
not stop said endloader when brake was tested.

The citations, assessments, and proposed settlements are as follows:
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Citation No.    Date    30 CFR Section    Assessment    Settlement

906335
	11/17/81
	75.
	603
	$
	300
	$
	250

906338
	11/19/81
	77.
	506
	
	750
	
	500

906339
	11/19/81
	77.
	700
	
	500
	
	400

$1550        $1150
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Citation No.    Date    30 CFR Section    Assessment    Settlement:
907002         2/12/82 77.1605(b)       $ 750        $ 500

The arguments advanced by the petitioner in support   of the proposed
settlements follow below. cited were serious (Tr. 28).
